exceeding 1100 (imp.) gallons per mile per 24 hours." It may be m however, that to lay sewers in such a way that the leakage woulc exceed this amount requires exceedingly careful as well as expei work. At Elberfeld, Germany (Eng. Record, Dec. 25, 1909), b putting the sewers into service, the ends are closed with iron p fitted with rubber packing rings. Air pressure is then applied w: bicycle pump; if the pressure remains constant at 3.7 Ib. for 19 min the pipe is passed.